OF SOUTH CAROLINA

Sec. 5. The engineer's report for sewage work shall cover:
(a) Sewage Flow-State the present and estimated population for mu-
nicipalities twenty-five years hence, and for both present and future
needs.
(b) Industrial Waste-Give character of industrial waste.
(c) Type of Purification-Give reason for adopting the proposed
method.
(d) Soil-Probable character of soil through which sewers will be
laid and portion of the system that will be below normal ground water
level?
(e) Outfall-Describe the stream or body into which the final effluent
is to be discharged. If stream, give width, depth and estimated minimum
flow; state for which it is used below the outlet and whether there are
any special features, such as a dam, that will effect the flow. If a lake,
give approximate area, also depth in vicinity of the outfall.
Sec. 6. In general, in the design and construction of sewage work,
approved modern practice shall be followed and a licensed engineer shall
supervise all construction.
Sec. 7. Plans for sewage treatment plants will be approved only
when the following rates of operations are not exceeded, except where
special conditions exist, when the Board may permit higher rates.
Sec. 8. Imhoff Tanks. (a) Settling chamber 13/2 to 22 hours retention.
(b) Sludge digestion chamber, capacity one to two (1 to 2) cubic
feet per capita computed below a horizontal plane eighteen (18) inches
below slot. Sand Filters-1,000 persons per acre of area with minimum
depth of three (3) feet above the drains.
Contact Beds-1,000 persons per acre of area per foot of depth with
minimum depth of 4 feet.
Trickling Filters-3,000 persons per acre of area per foot of depth
with minimum depth of 5 feet.
The effective sire of sand for filters should not be less than 0.2 millimeter
nor more than 0.4 millimeter. Contact beds shall consist of stone not
less than one-half inch nor more than 2 inches, and for trickling filters
the sizes shall be three-quarters of an inch to two and one-half inches.
The discharge of sludge or screening into a stream or watercourse will
not be permitted.
Sec. 9. On the completion of any sewage treatment plant or sewer
system the State Board of Health shall be notified when the final in-
spection is to be made.
Approved and promulgated by the Executive Committee of the South
Carolina State Board of Health, July 14, 1937.
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